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CHANGE  OF  ADDRESS. 

The  Edmonton  Offices  of  the  Electrical  Branch  have  been  combined  and  are  now 
located  on  the  fifth  floor  of  the  New  Administration  Building.  This  includes  the 
Permit  Office  formerly  located  in  Provincial  Building  ^ and  the  Inspection  Office 
formerly  located  in  the  Terrace  Building.  The  telephone  numbers  nre  as  follows; 

9l659it  - Mr.  S.A.B.  Kembry,  Chief  Electrical  Inspectorj  916595  - Permit  Office-  916385 
Inspection  Office..  _ . * 


The  Calgary  office  of  the  Electrical  Branch  has  been  moved  from  the  Old  Court  House 
Building  to  the  third  floor  of  the  Old  Telephone  Building,  located  at  128  - Tth  Avenue 
W.  The  Telephone  number  is  28573.  ’ ’ 

CLIMBING  OF  POWEB  COMPANY  SKHVICE  POXES. 

A number  of  reports  have  been  received  recently  of  Interior  wiremen  climbing  rural 
power  poles  to  make  service  connections.  This  practice  is  strictly  forbidden  for  sev- 
eral very  good  reasons.  In  the  early  days, of’ rural  electrification,  a number  of  accid- 
ents occurred  from  wiremen  contacting  the  high  voltage  circuit  when  making  such  con-  ^ 
neotions  at  transformer  poles.  In  many  cases,  the  climbing  space  on  the  pole  Is  ob- 
stMcted  by  the  attachments  made,  necessitating  their  removal  by  the  power  company  line- 
men. In  some  instances,  the  connections  were  Improperly  made,  resulting  in  short  cir- 
cuits through  ground.  This  caused  a fire  hazard  and  resulted  in  very  high  meter  read- 
ings which  had  to  be  accounted  for  by  the  customer.  The  power  companies  are  always  pre- 
pared to  make  such  connections  and  they  should  be  called  in  every  case  when  service  Is 
required.  Persons  ignoring  this  ruling  may  be  refused  permits  for  wiring. 

LOCALLY  MANUfACTUBED  WISING  DEVICSS. 

Contractors  and  electricians  are  cautioned  against  the  oonstructign  or  installation 
of  puli  boxes,  gutters.  Tilting  units,  panels,  etc, , without  first  obtaining  approval 
of  the  asBembly  from  this  branch. 


^To  obtain  approval,  the  units  must  be  constructed  in  accordance  with  the  appropriate 
specif! cations  and  a sample  must  be  submitted  for  examination  and  test  before  any  units 
are  installed.  Such  local  approval  is  normally  only  considered  for  specialized  items 
not  readily  available  as  approved  units  or  assemblies.  If  a quantity  of  units  Is  to  be 
mnufactured  on^a  continuous  basis,  application  for  approval  should  be  made  to  the 
Approvals  Division  of  the  Canadian  Standards  Aesooiation,  whose  approval  Is  acceptable 
anywhere  in  Canada. 


Inspectors  have  been  instructed  not  to  accept  devices  and  equipment  not  approved 
either  by  the  Canadian  Standards  Aseooiatlon  or  by  this  Branch. 

T-BATED  SNAP  SWITCHES. 

Inquiries  have  been  made  as  to  what  constitutes  a T-rated  snap  switch  and  where  it 
IS  to  be  used.  ^T-rated  snap  switches  are  covered  by  C.S.A.  Specification  Ho.  55  and  to 
ODtain  this  rating  they  must  undergo  6000  operations  at'  six  second  intervals,  carrying 
ull  rated  current.  In  addition,  they  must  also  carry  an  inrush  current  of  eight  times 
heir  current  rating. , These  switches  are  required  on  circuits  supplying  tungsten  fila- 
ment^ loads  and  for  a combination  of  tungsten  filament  and  inductive  loads.  Their 
initial  inrush  on  tungsten  filaments  may  be  as  high  as  twelve  to  fourteen  times  their 
rating.  Switches  having  this  rating  are  marked  with  a."T''  and  essentially  they  are  a 
heavy  duty  switch.  These  switches  should  also  be  used  on. small  fractional  horse-power 
motors  to  provide  the  necessary  capacity  for  starting  or  stalled  rotor  currents  which 
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CIHCUIT  BHEAKEBS  USED  TO  SEBVICS  EQUIPMEM?  (SULS  4o4(a)  C.E.  OODE.  ) 

A main  switch  is  not  required  in  residences  when  circuit  breakers  are  used  to  pro- 
tect branch  circuits,  but  there  are  definite  limitations  to  this  type  of  service  install- 
ation  which  should  be  kept  in  mind. 

Sequence  metering  is  required  In  the  form  of  a plug-in  type  meter  or  an  "A"  box  and 
a check  should  be  made  with  the  power  company  concerned  to  determine  which  of  the  above 
types  of  meter  box  will  be  supplied.  The  circuit  breakers  must  all  be  Installed  in  one 
cabinet.  If  additional  circuits  are  anticipated,  provision  for  additional  breakers 
should  be  made  in  the  original  installation.  The  new  types  of  breaker  panels  with  nlue- 
In  type  breakers  make  this  quite  easy  to  do  and  it  is  suggested  that  at  least  two  addi- 
tional breakers  be  provided  for,  over  and  above  the  number  required  for  the  original 
installation.  The  connected  load  for  circuit  breaker  installations  of  this  tvne  shall 
not  exceed  100  amperes  at  300  volts. 

In  general,  the  number  of  breakers  should  not  exceed  ten  in  number.  This  will  nermit 
a range  breaker  and  eight  15  ampere  branch  circuit  breakers  on  a three  wire  service  for 
residence  loads.  If  more  than  this  number  of  circuit  breakers  are  required  or  if  the 
load  is  likely  to  exceed  100  amperes,  a disconnect  switch  should  be  installed  ahead  of 
the  breaker  panel. 


GBQUP  FUSIig  OF  MOTOES. 

Small  fractional  horse-power  motors  may  be  group  fused  on  a circuit  with  standard 
overload  devices  protecting  each  motor,  providing  the  maximum  fusing  of  the  current  does 
not^exoeed  15  amperes.  For  group  fusing  above  15  amperes,  the  individual  over-load 
devices  on  each  motor  must  be  of  a type  approved  for  this  service.  Switches  having 

devioes_ approved  for  group  fusing  are  available  from  various  companies 
ana  a table  is  inserted  in  these  switches  indicating  the  maximum  fusing  allowable  for 
the  rating  of  the  thermal  overload  trip  being  used. 

In  general,  group  fusing  is  only  applicable  where  the  horse-power  of  the  motors 
used  does  not  vary  to  any  wide  extent  and  where  manually  operated  switching  is  acoentable 

^°6(e)  of  the  Canadifn  Electrical  ’ 


PMS  AMD  SPSCIFICATIOMS. 

Buie  34(a)  of  the  Permit  Eegulatloas  states  that  an  inspector  may,  at  hia  discretion 
call  for  plans. and  specifications  of  electrical  work  in  any  premises  where  he  mZ  ZlT 
1 advisable  -o  do  so,  and  In  any  case,  such  plans  and  specifications  shall  be  submitted 

place  or  building  where  the  public  safety  may  be  deemed  to  be  affected. 

pi™  "•  aired,  a.  pemlt  vlll  mt  be  l.eued 
ram  .111  fl™!™  rcoelYti  md  ssprov.d  by  the  district  Ihspector.  Ooe 

11?  .ties  ..t  bfi“j  iS  »Si«^r!nbS!nr;i?4“s  StS";. 

mSiST:  ‘cS.s- 

mailiig  list. 


^ Approximately  1,500  of  these  Quarterly  Bulletins  are  mailed  to  the  trade  and  manv 

Slied  fir”  Stef were  returned  by  the  Poet  Office  marked  Known"  or  "Not 

called  for  . rfhen  this  occurs,  the  name  is  automatically  removed  from  our  list  until 

such  time  as  a new  mailing  address  is  forwarded.  If  you  are  not  recefvS  these  flLtins 

if  they  are  being  forwarded  from  a previous  address,  would  you  clease  advice  us  of 

your  change  of  address  immediately?  > u yuu  piease  aavise  us  ot 

Your  comments  on  any  items  appearing  in  the  Bulletin  would  be  apnreciated  and  if  vn, 
have  any  questions  that  would  be  of  general  interest  to  the  trade,  we'will  be  pleased  to 
answer  them  through  an  Item  in  this  Bulletin.  pleased  to 


